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keep the air temperature at comfort level. By covering the inside of the
corrugated iron sheets with i-in. thick tongued and grooved boards, the
coefficient of transmission will be reduced to 0-38,

Other examples: 9-in. brick wall and inside covering of board will
reduce the heat transmission coefficient to about 0-25 ; by using wood
studding to provide an air space between the wall and the boarding the
improved value of 0*18 will be reached.
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ZI6. Plan, with inset section, showing the combined space heating and hot water
system installed in the Ministry of Works Temporary Houses, Note the warm
air ducts to provide background heating in bedrooms.